EXISTING eWLOJNC GROUND BuS 


-EXISTING FEDERAL PACIFIC, 1600A ALUM. 
PAIRED PHASE BUSVKAY TO REMAIN 

-114/0 TO BULDINC CROON&.BAR 

tCT TO GROUND LUG W 
TRANSITION BOX 


5--T CDTS: 4#50OKCM$l 
JJ500KCMIL GND WIRE 

ELEVATOR 
PZ #19 


CONCUTTS TURNING 
DOWN SEE SECT "6-8* 


EXISTING K5GH VOLTAGE 

FEEDER— • • - -■- 


EXISTING TRANSFORMER 

I500KVA.. 1.3 8KV 

480/2 77V 



..—<*'> 


SEE GENERAi. 
NOTE #16 
DWG E-1. 

SWEEP CONDUITS™ 
ABOVE EMSTING 
CONDUITS IN 
SUBSTATION ROOM 


tff 


(2) 9a OFFSETS (UP 
IN ELEVATION) 


PARTIAL PLAN 41th. FLOOR NORTH 


2000A. COPPER FEEDER 
BUSWAY, SEE GENERAL 
NOTE #6, DWG E-1, 

TRANSITION BOX 



TIE INTO EXISTING SWITCHBOARD 
BUS. PROVIDE NEW BUS DETAIL 
AS REQUIRED. 


EXISTING 480/2 77V 
SWITCHBOARD. 


SECTION A-A 


SECURE TO- 
BUILDING 
STRUCTURAL 
BEAMS. SEE 
DETAIL DWG, 
0E-24 it 
ARCH DWGS 


(2) 9CT OFFSETS (DOWN 
IN ELEVATION) 


2000A. COPPER fEEDER 
BUSWAY. SEE GENERAI, 
NOTE #6, DWG E-1. 


SEE ARCH DWG'S • 
FOR ACCESS PANEL 
DETAIL. 



NOTES: 


■R 


1. SEE DRAWING E-1 FOR BUSWAY SCHEDULE & GENERAL NOTES. 

2- TRANSFORMERS & SWITCHBOARDS WILL BE LIVE DURING INSTALLATION 


(SUBSTATION SS-41N) 


SUBSTATION 

SS-4TN 


4na 


SHAFT & 
ELEC Cl 

AREAS 




SEE RJSER DRAWING E-9 & 
DWG E-5 FOR CONTINUATION, 


UP TO CABLE SUPPORT 
BOX ON 45TH FLOOR 

6-4" CONDUITS, 4#5O0KCMiL & 
1#4/0 GND WIRE. 

TO RESPECTIVE CABlX 

TOP BOX — - ■■■■■■ ■■■! 


CABLE SUPPORT 
BOX. NEMA TYPE 4, 
36"X36"X16*D WITH 
COVERS ON FRONT 
AND BACK. 


5-4" CONDUITS, 4#500*CMli A 
I #4/0 GND WIRE 


SECTION B-B 


SEE RJSER DWG E-9 * 

DWG E-4 FOR CONTINUATION 


flNEjfflfiLD 
IB&CE 


TWO WO-RIP 
TRADE — 


t 


WORK A flE A KE Y PLAN 


Sh*rt 


lO o« d r \ 



cK?D!K7®Ky} 



E**Mria* Fngnm Mmgcr 


EDWARDS and ZUCK, P.C, 

CONSULTING ENGINEERS 

330 W*rt 42«d St*«. Nm Y**, KT 10036 
J12-73«-5400 

(£) \9Td C<*o«» ant ZvekfiC 



No. Oote Revision 


Approved 



Title 

LOW VOLTAGE DISTRIBUTION 

ONE WTC 

ELECTRICAL 
418? Ffi.00* 

NORTH SIDE 

BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-4W) 


Ires dfsr»*xt suDjecl lo coixt'bons m control 
AR inventions, «Je<«, deigns a^d methods 
hercm are reserves to Port Aythofflv ano" 
man «©! tie <?se«J «ttktsul «'** «ri'He*s rcnseM 


MW 


»o«!'OC( Kumtse* 


0ro«Bno NufltD*< 


WTC-804.041 E-3 
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